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BRITISH MUSEUM. 



GENERAL REGULATIONS 
FOR PI^EVENTION OF FIRE. 



The Museum is never to be left without one, Resident 
at least, of the Resident Officers within the 
precincts, so that proper orders may be given, 
and due care taken, for its safety in case of fire 
or other accident ; and the Firemen and Police 
are required to know at all times, by referring 
to the book at the Porters' Lodge, which Officer 
is in charge, in order that they may send to him, 
in the absence of the Director, immediate notice 
of any such accident. 

Each Resident Officer of the Establishment 
is to be punctual in the observance of the duty 
of remaining in charge, required of him by 
the Fifth Chapter, Section 3, of the Museum 
Statutes. 

Two Firemen shall always be on duty, one of Firemen, 
whom shall remain in the Firemen's Watch- 
Room. 



^i^^- At the closing of the Museum, every day, 

all Fires in the stoves and grates are to be left 
safe. No coal is to be put on the fires after 
2.30 p.m. 

A quarter - of- an -hour before closing - time 
(4, 5, or 6 |).m., according to the season) all 
studies and rooms where there have been fires 
during the day shall be visited by one of the 
housemaids or a house labourer, who shall see 
that the fires are out or safely guarded. 

No fire is to be raked out ; nor is water to be 
poured on a fire or ashes. 

Patroii. One of the Messengers, accompanied by a 
Police Constable, &hall close and lock the doors 
of the several Departments, and shall pass 
through all the rooms which have been used 
during the day, as soon as the Galleries and 
Students' Rooms are closed to the public. 

After the closing of the Museum, one of the 
Messengers, accompanied by the Inspector or a 
Sergeant or a Constable of Police, and a Fire- 
man, shall patrol all parts of the Building at 
such hours as the Trustees may fi*om time to 
time appoint. They are to take care that 
every part is safe and that no person is lurking 
therein. The route to be taken through the 
Museum shall be determined from time to time 
by the Director. 



A record of the patrols shall be entered by 
the Messengers in a book kept for the purpose, 
which shall be submitted to the Director on the 
morning of each week-day. The patrols shall 
also be entered in the " Police Patrol-Book " and 
in the " Firemen's Report- Book." 

The Fireman engaged in the patrols shall, 
during the night, patrol the Basement, in the 
intervals. 

Tjocked Lamps or (in preference) Electric Lamps. 
Lamps only shall be used in the Museum. 

The Lamps (other than Electric Lamps) shall 
be cleaned, trimmed, lighted, and locked in the 
Lamp-house ; and, if the lights go out, the lamps 
shall not be opened and re-hghted within the 
Museum, but they shall be taken to the Lamp- 
house or to the Firemen's Watch-Room or to 
the Porters' Lodge for the purpose. 

The use of Lighted Candles within the Candies. 
Museum (excepting tapers for sealing letters) 
is strictly forbidden ; unless allowed by a special 
written authority of the Director, or, in his 
absence, of the Officer in charge. 

The Housemaids shall see that all the Fires Fire- 
wanted for the day are lighted at the appointed 
hour and are left safely guarded. In making 
the fires, the paper and wood are not to be 
lighted before coal is put on. 



Binders' The Bookbinder shall take special care that all 

Workshope. , ^ 

Stoves are left in a safe state and that all lights 
are extinguished in the Binders' Workshops, 
before he leaves for the night. All waste -paper 
and cuttings are to be removed daily. 

The Police shall keep a special watch on the 
Binders' Workshops during the night. 

Chimney- All Stovcs, Chimneys, and Flues (other than 

sweeping. , . 

boiler-flues) shall.be examined and swept under 
the supervision of the Clerk of the Works once a 
month, or oftener if necessary . 

Boiler-flues shall be swept once in eight weeks, 
or oftener if necessary. 

The Resident Officers and Servants of the 
Museum are required to take every precaution 
against fire in their houses and apartments, and 
to see that their chimneys are swept. 

Inspections There shall be four Inspections of the Fire- 

otFire- r» . , . 

Protection Protection Plant during the year (namely, on 
the Tuesday before the second Saturday in 
January, April, July, and October), by the 
Chief Officer of the London Fire Brigade, or his 
deputy, and the Clerk of the Works, at which all 
the servants of the Museum (or as many of them 
as can be spared) shall be present and assist. 

At each Insj)ection the hydrants and hand- 
pumps, and a portion of the hose and gear 
belonging to them, shall be worked with water. 



A report of each Inspection shall be entered in 
the " Fire Inspection- Book " and shall be signed 
both by the Brigade Officer and by the Clerk of 
the Works. The book shall be laid before the 
Trustees at their next ensuing Meeting. 

All articles of the Fire-Protection Plant shall 
be branded or otherwise marked with the words 
" British Museum " or the initials '' B.M.," and 
shall be kept in charge of the senior Fireman. 

During the months of April to September Fire-Drflla. 
there shall be fortnightly Fire-Drills under the 
se'nior Fireman, in which the Police and Mes- 
sengers (or as many as can be spared from other 
duties) shall take part. The Commissionnaires 
also shall be drilled in the same manner. 

All the Attendants of the Museum are to be 
exercised, from time to time, by the senior Fire- 
man, in the use of the hand-pumps and fire- 
buckets. 

The Firemen are under the control of the Firemen. 
Clerk of the Works, who shall take care that 
the records of their daily duties are punctually 
entered in the '' Firemen's Day-Book." 

The Firemen shall also keep a book called the 
" Firemen's Report- Book " for the daily entry 
of all matters connected with the Fire- Protection 
service ; and they shall submit it to the Director 
on the morning of each week-day. 
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Clerk of the The Clerk of the Works shall take care that 

Works. 

the Water and Gas services, the Fire- Protection 
Plant, and all Telephones and Alarms are in 
working order ; and that all stoves, chimneys, 
and flues have been swept at the proper times ; 
and he shall submit a written report thereon to 
the Director every month. He shall at the same 
time report the Fire-Drills that shall have taken 
place during the month. 

Chief Officer, The Chief Officer of the London Fire Brigade 

London Fire . . . . 

Brigade. is authorized to visit the Museum, either 
personally or by deputy, at any hour of the day 
or night, in order to satisfy himself that all 
necessary precautions against fire are being 
taken ; and he will report such visits to the 
Director. 
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ALARM OF FIRE. 



On an Alarm of Fire : — 

The Firemen must at once be called. 

The Director and the Officer in charge must 
at once receive notice. 

The London Fire Brigade must be summoned 
immediately by telephone. 

The seal of the Commanding-Cock near the 
Back Gate shall be broken and the water turned 
on (the key is kept in a box fixed to the neigh- 
bouring wall). 

The Clerk of the Works and the Plumber's 
Labourers must be summoned, and must attend 
as soon as possible. 

The Museum, if open, must be cleared at once 
of all visitors, Avho shall be peremptorily required 
to quit the premises. 

All Gates shall be closed, and no one shall 
pass in or out without authority. 

The senior Assistant-Messenger shall take 
charge of the Front Gate, to direct the Gate- 
keeper. 
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The Director or, in his absence, the Officer in 
charge shall take the general direction. But the 
senior Fireman present shall be answerable for 
action in contact with the fire, until the arrival 
of a responsible Officer of the London Fire 
Brigade, who shall then take command. 

Addresses. 

Nearest Fire Brigade Station. — Theobald's 
Road. 

Nearest Police Station. — No. 58, Tottenham 
Court Road. 

British Museum Firemen. — No. 35, Coram 
Street. 

The addresses of the Clerk of the Works, of 
the Turncocks, and of the British Museum 
Plumber's Labourers must be kept hung up in 
the Firemen's Watch-Room. 
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ALARM CIRCUITS. 



There are two electric Alarm Circuits ; the one 
outside, the other inside the building. 

Outside Circuit. 

Pulls to give the Alarm are provided — 
In the Front Lodge. 
In the Centre of the East Wall. 

J, „ „ West „ 

„ „ „ North „ 

Bells are fixed — 

In the East Front Lodge. 

At the Back Gate. 

On the staircase in each of the houses 

occupied by the Messengers. 
In the Director's House. 

The Indicator in the Front Lodge shows 
which Pull has been used. 

All the Bells ring simultaneously, whenever 
any one of the Pulls is used. They continue 
to ring until the Pull is released. A fork is 
hung close to each Pull, to be used for breaking 
the glass cover and drawing the Pull. 

When the Alarm sounds in the day-time, the 
Constable at the Front Gate shall at once go to 
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the place where the bell has been pulled, in 
order to obtain information and to help. 

When the Alarm sounds at night, the 
Front Gratekeeper shall telephone through to 
Tottenham-Court-Road Pol i(;e- Station for help. 
He shall also telephone to the Firemen's Watch- 
Room stating which Alarm has sounded. As 
soon as a Messenger arrives at the Front Gate, 
the Museum Officer in charge and the Police 
Officer on duty shall be informed. All Resident 
Servants shall go to the Front Gate as quickly 
as possible. The senior Messenger on duty 
shall take with him the reserve set of Night and 
Chubb keys. 



Inside Circuit. 



Pulls to give the Alarm are provided — 

In the Front Hall. 

On the North-East Staircase. 

On the North- West Staircase. 

In the Corridor of the Gold Ornaments 
Room. 

At the Montague- Street Entrance. 

Bells are fixed — 
In each Front Lodge. 
At the Back Gate. 
At the Montague- Street Entrance. 
In the Firemen's Watch- Room. 
In the Office of the Clerk of the Works. 



1ft 

In the HalU 

In the Director's House. 
On the staircase in each of the houses 
occupied by the Messengers. 

The Indicator in the Hall shows which Pull 
has been used. 

All the Bells ring simultaneously, whenever 
any one of the Pulls is used. They continue 
to ring until the Pull is released. A fork is 
hung close to each Pull, to be used for breaking 
the glass cover and drawing the Pull. 

When the Alarm sounds, the Messenger shall 
send help at once to the signaller, and shall 
report to the Director and to the officer in 
charge. 

Either the Electrician or the Assistant- Elec- 
trician shall every day test the whole of the 
apparatus of both circuits (except the Bells in 
the Director's House) ; and shall enter the 
result in a book to be submitted the following 
week-day morning to the Director. 

The Electrician or, in his absence, the 
Assistant- Electrician shall be resj)on8ible for 
all adjustments and repairs of the apparatus. 
Whenever a Pull or Bell is out of order, a 
notice to that eflfect shall be placed in a 
conspicuous position near it. 
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The following Orders are , posted at the 
gates : — 

Front Gate. 

" Alarm Bell." 
" Notice." 

"When the Alarm sounds, lock the Gates 
and await orders. 

" The senior Assistant-Messenger shall at 
once take charge (in the day or in the night)." 

Back Gate. 

"Alarm Bell." 
" Notice." 

" When the Alarm sounds, lock the Gute and 
await orders. 

" Admit Firemen and Police, but send other 
persons round to the Front Gate." 



Notice for the Firemen : — 

" When the Alarm sounds, the Fireman on 
duty in the Firemen's Watch-Room shall 
summon the Firemen who are off duty, and shall 
await orders." 
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TELEPHONES. 



Telephones for the British Museum service 
are installed as follows : — 

No. 1. In the North Library. 

2. „ Fourth Egyptian Room Study. 

3. „ Prints and Drawings Depart- 

ment. 

4 . „ White Wing Newspaper- Lobby . 

5. „ Ethnographical Gallery. 

6. „ Entrance Hall (Messengers' 

Pound), t 

7. „ Assjo'ian Transept. 

8. „ Police Room (East Side). 

9. ,, Firemen's Watch-Room (to 

New Scotland Yard Police 
Station). 

10. „ Firemen's Watch-Room (to 

Holborn Fire Station). 

11. „ Front Gate Lodge. 

12. „ Firemen's Watch-Room (to 

Tottenham -Court -Road 
Police-Station). 

13. „ South- West Staircase (Top). 
1-1. „ Back Gtite (^Gatekeeper's Box). 

?0807 B 
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The lines lead to a general switch-board in 
the Firemen's Watch- Room. By telephoning 
instructions to the Fireman on duty, through 
communication can be made from any one point 
to another. 

After using any through communication, the 
signal to "switch oflf" (three short distinct 
rings, by pressing the button three times) must 
be given. 
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WATER SERVICE. 



Outside Service. 

The Principal Main (varying in internal 
diameter from 10 to 9 inches) lies about 3 feet 
under the roadways round the Museum and 
round the Inner Quadrangle. It is always kept 
charged with water from the New River Com- 
pany ; the connection with the Company's Main 
being at the Back Gate. For emergencies there 
is also a connection (shut off) with the Com- 
pany's Main in Great Russell Street. There 
is a pressure-gauge in the Firemen's Watch- 
Room. 

The Fire-Cocks in the roadways are immedi- 
ately connected with the Principal Main. 

On the Roofs there is the Roof Main, of 
3 -inch internal diameter, following the outline 
of the main building, the White Wing, and the 
Dome of the Reading Room, and running the 
length of the Lower Roof on the Western 
side of the Museum. It is charged from the 
Principal Main by a Rising- Main outside the 
Elgin Room. In emergencies it can also 

?0307 B 2 
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be charged by a maio connected with the 
Rising-Main (for Cistern A) in the South- West 
Staircase. 

Connected with the Roof Main are two. special 
Dry Rising-Mains, one on the East and one on 
the West side of the building, with inlets at the 
bottom, to which can be coupled the delivery- 
hose of Steam Fire-engines, in order to increase 
the pressure at the roof-level. 

Hose, branches, ami other gear for the Roof 
Main are kept in boxes on the roofs. 

Tank and Cisterns. 

In the centre of the Front Court- Yard, 
50 feet from the Front Gate, there is an Under- 
ground Tank, about 18 inches below the surface. 
It holds about 8,000 gallons of water, supplied 
from the Principal Main. 

Under the Roofs there are 14 Cisterns, holding 
about 23,000 gallons of water. They are always 
kept filled by Rising-Mains, the supply being 
regulated by ball-cocks. The Rising-Mains are 
charged from the two 4-inch Mains which branch 
from the Principal Main at points near the Back 
Gate and near the Clerk of the Works' Office, and 
which supply water for domestic use in the 
Museum as well as for the cisterns. 
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The Cisterns are as follows : 



— 


4 

Dimensions. 


Oapacity 

in 
Gallons. 


Where Placed. 


A 


ft.: 

8 


in. ft. in. ft. 
11X7 5X5 


in. 
3 


2,170 


Top of S.W. Staircase. 


B 


12 


6X5 6X5 


6 


2,363 


Adjoining Gold Ornaments 
Boom. 


\: 


14 
12 


0X4 11X5 
0X4 11X6 


3 

9 


2,258 ) 
2,489 ) 


E. side of Third Vase Boom. 


i: 


11 

7 


0X6 7X4 
0X6 9X5 


6 
3 


2,036 j 
1,550 ) 


W. end of North Wing. 

4 


i: 


7 
11 


0X6 9X5 
0X6 9X4 


3 

6 


1,550 j 
2,088 ) 


E. end of North Wing. 




^ I 


6 


0X4 6X4 


3 


736' 






J 


14 


0X4 3X5 


3 


1,952 




< 


K 


7 


1X3 11X3 


9 


660 y 


Centre of East Wing. 




L 


7 


1X3 11X3 


9 


650 






M 


7 


1X3 0X3 11 


680 




N 


12 10X6 9X4 
Total... 


3 

• • • 


2,150 


E. end of South Wing. 
Gallons, or 105 Tons, nearly. 






23,322 



Note. — Those in brackets are coupled together, but can be 
separated bj turning off the cocks in the connecting pipes. 



Inside Sebvice. 



A system of Service-Pipes, of 3-in. internal 
diameter, is carried throughout the Ground and 
Upper Floors of the Museum. They are kept 
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charged, by pressure, from Kising-Mains. If 
the pressure of water in the Rismg- Mains is 
relaxed, the water stored in the Cisterns comes 
into use and feeds the Service- Pipes. Fire-Cocks 
and other Cocks are fixed in positions indicated 
in the Plans. 

With each Fire- Cock there is a sufficient 
length of hose and gear, coupled-up ready tor 
immediate use ; and there are also six Fire- 
Buckets. 

There are two Corridor- Engines, kept in the 
Prehistoric Saloon ; and six Hose- Trucks, each 
holding 400 feet of hose, are distributed about 
the Museum. 

There are also in the Fire-Engine Room two 
Hose-Carts, a Hose-Reel, and a Ladder- Truck, 
and 24 Fire- Buckets. 

The position of each Fire- Cock with its 
accompanying gear is indicated by a letter H 
{i.e.^ Hydrant) painted on the wall or let into 
the floor of the nearest thoroughfare. 

In the basement of the New Library surround- 
ing the Reading Room there are eight Fire- Cocks, 
which are connected directly with the Principal 
Main. This Main also supplies directly the 
service in the Basements and inside the Binders' 
Workshops. 
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FIRE-PROTECTION 
PLANT. 



Fire-Cocks. 

No. 1. New Library (Reading Room) Base- 
ment, South side. 

J, 2. New Library (Reading Room) Base- 
ment, West side. 

„ 3. New Library (Reading Room) Base- 
ment, West side. 

„ 4. New Library (Reading Room) Base- 
ment, North side. 

„ 5. New Library (Reading Room) Base- 
ment, North side. 

„ 6. New Library (Reading Room) Base- 
ment, East side. 

„ 7. New Library (Reading Room) Base- 
ment, East side. 

„ 8. New Library (Reading Room) Base- 
ment, South side. 

» Ground Floor. 

No. 9. South- West Staircase, landing. 

„ 10. Director's Office, Staircase. 
„ 11. „ „ „ landmg. 

„ 12. Egyptian Gallery (East side). 

„ 13. Grasco-Roman Monuments, Basement, 



No. 14. North Library, West Staircase. 
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15. 


„ „ East „ 


1J 


16. 


King's Library (East side). 


)> 


17. 


White Wing, Mezzanine (North side). 


M 


18. 


„ Basement (North side). 


» 


19. 


„ „ (South side). 


5J 


20. 


„ South Staircase. 


?J 


21. 


South-East Staircase. 
Upper Floor. 



No. 22. South- East Staircase. 

„ 23. Glass and Ceramic Gallery. 

„ 24. White Wing, North Staircase (Top). 

„ 25. Ethnographical Gallery (East side). 

„ 26. Ethnographical Gallery (East side), 

(North of No. 25). 

„ 27. North GnUery, East Staircase. 

„ 28. North Gallery, East Hoisting Shaft. 
„ 29. „ „ West Hoisting Shaft. 

„ 30. Third Vase Room (East side). 

Lower Roof. 

No. 31. West Side (South end). 

„ 32. North of No. 31. 

„ 33. North of No. 32. 

„ 34. North of No. 33. 

Upper Floor. 

No. 35. Gold Ornaments Room Lobby 
„ 36. South- West Staircase. 






Hpper Roof. 


0. 37. 


West Roof (South end). 


, 3S. 


North of No. 37. 


„ 39. 


North of No. 38. 


„ 40. 


North of No. 39. 


„ 41. 


Dome, North-West side. 


„ 42. 


„ Norti-East „ 


, 43. 


„ South-East „ 


, 44. 


„ South-West „ 


, 44. 


North of No. 40. 


, 46. 


North of No. 44. 


„ 47. 


North of No. 46. 


„ 48. 


North Roof (West end) 


„ 49. 


East of No. 48. 


„ 50. 


North Roof (Centre). 


„ 41. 


East of No. 50. 


„ 42. 


East of No. 51. 


, 43. 


East Roof (North end). 


, 44. 


South of No. 53. 


, 45. 


South of No. 54. 


, 56. 


South of No. 55. 


, 57. 


South of No. 56. 


, 48. 


White Wing, North side. 


, 59. 


East „ 


, 60. 


South „ 


, 61. 


West of No. 60. 


, 62. 


South-West of No. 61. 


, 63. 


North-West of No. 62. 


, 64. 


North. West of No. 63. 


, 65. 


West of No. 64. 


, 66. 


West of No. 65. 



No. 


67. 




68. 




69. 




70. 




71. 




72. 




73. 




74. 




75. 




76. 




77. 
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Outside the Building. 

Front Steps (West end). 
West Grass-Plot. 
Opposite No. 6 Residence. 
No. 7 
„ No, 8 „ 
Back of Director's Office. 
South-West passage to Inner Quad- 
rangle. 
West Wall of Main IJuilding. 
North of No. 74. 
North Basement (West end). 
Bookbinders' Workshops (West 
entrance) . 
,, 78. Bookbinders' Workshops, Ground floor 

(West end). 
„ 79. Bookbinders' Workshops, Upper floor 

(West end). 
Bookbinders' Workshops, Ground floor 

(East end). 
Bookbinders' Workshops, Upper floor 

(East end). 
North Wall of Main Building (opposite 

Bookbinders' Workshops). 
Carpenters' Workshops (West end). 
„ „ (East end). 

Opposite Housekeeper's Room. 
Opposite North-East Passage to Inner 
Quadrangle. 
„ 87. South of No. 86. 



» 


80. 


» 


81. 


» 


82. 


» 


83. 


J> 


84. 


5> 


85. 


» 


86. 
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No. 88. Opposite South-East Passage to Inner 

Quadrangle. 

89. White Wing, North side. 

90. Inner Quadrangle, South side. 

91. „ „ South- West corner. 

92. „ „ West side. 

93. „ „ North-West corner. 

94. „ „ North side. 

95. „ „ North -East corner. 

96. „ ,, East side. 

97. „ „ South East. corner. 

98. Near Lamp-Room. 

99. Director's Garden. 

100. Opposite No. 4 Residence. 

101. „ No. 3 „ 

102. „ No. 2 „ 

103. East Grass-Plot. 

104. Front Steps i^East end). 



Divisional and Commanding Cocks. 

Ground Floor. 

C. C. 1. To A cistern, South- West Staircase. 

C. C. 2. „ B cistern, Director's Office, Stair- 
case (Bottom). 

C. C. 3. „ E and F cisterns, North Library, 

West Staircase. 

C. C. 4. „ G and H cisterns. North Library, 

East Staircase. 

C. C. 5. „ N cistern, South-East Staircase 

(Bottom). 
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Upper Floor. 

C. C. 6. To T, J, K, L, and M cisterns, Ethno- 
graphical Grallery (East side). 

C. C. 7. „ C and D cisterns, Third Vase 

Room (East side). 

C. C. 8. „ Duplicate Rising Main to Roof, 

South- West Staircase (Top). 

Upper Roof. 

D. C. 9. Near South- West Angle. 
D. C. 10. North of No. 9. 

D. C. 11. North of No. 10. 

D. C. 12. North of No. 11. 

D. C. 13. Near North- West Angle. 

D. C. 14. North Roof (Centre). 

D. C. 15. North Roof (East end). 

D.C.I 6. South of No. 15. 

D. C. 17. White Wings (East side). 

D. C. 18. South Roof (Centre). 

Outside the Building. 

C. C. 19. To Company's Main, South- West 

comer of Precincts. 
C. C. 20. „ A, B, and N cisterns, Back of 

Director's Office. 
C. C. 21. „ Roofs, West side of Main Building. 

C. C. 22. „ F. C. 13, North of No. 21. 

D. C. 23. „ West Section of Main, North of 

No. 22. 
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C. C. 24. To F. C. 76, North of No. 23. 

C. C. 2o. „ F. C. 78 and 79, Bookbinders' 

Workshops, Ground floor (West 

end). 

C. C. 26. „ F. C. 80 and 81, Bookbinders' 

Workshops, Grroiind floor (East 
end). 

D. C. 27. „ North Section of Main, opposite 

Housekeeper's Koom. 
C. C. 28. „ C, D, E, F, G and H cisterns, 

East of No. 27. 

C. C. 29. „ Company's Main. Back Gate. 
By-pass ) „ Near No. 29. (Here is the Water- 
C^k 30. 5 Meter.) 

D. C. 31. „ East Section of Main, South of 

No. 30. 

C. C. 32. „ I, J, K, L and M cisterns. South 

of No. 31. 

D. C. 33. „ Inner Quadrangle, East side. 

C. C. 34. „ White Wing, South side. 

D. C. 35. „ South Section of Main, South- 

East of Front Colonnade. 

C. C. 36. „ Tank under Front Court- Yard. 



Hose-Trucks, &c 



No. 1. Hose- Truck. Assyrian Transept. 

„ 2. „ „ North - West Staircase 

(Bottom). 
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No. 3. Hose-Truck. King's Library (Centre 

of East side). * 
„ 4. „ „ White Wing (Bottom 

of MSS. Staircase). 
„ 5. „ „ Central Saloon (East 

side). 
„ 6. „ „ North - East Staircase 

(Top). 

„ 7. Hose - Box. Lower Roof. 

8. ,, „ Upper Roof, South side. 



q 



55 55 



55 West „ 

„ North „ 

„ North „ 

,, East „ 

„ South „ 



5,12. 
„ 13. 

,,14. Hose- Truck. East Passage to Inner 

Quadrangle. 

„ 15. Hose - Cart. Fire-Engine Room. 

55 -^"- 55 55 55 55 55 

„ 17. Hose- Reel. „ ,, „ 

„ 18. Ladder-Truck. „ „ „ 



Corridor-Engines. 



No. 1. Central Saloon, 
9 

55 ^« 5> 5J 
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Hand-Pumps. 



No. 1. 
2. 
3. 
4. 

5. 

6. 

7. 

8. 

9. 
10. 
11. 
12. 
13. 
14. 
15. 
16. 
17. 
18. 
19. 
20. 
21. 
22. 
23. 
24. 



New Library (Reading Room) Base- 
ment, West side. 

New Library (Reading Room) Base- 
ment, West side. 

New Library (Reading Room) Base- 
ment, East side. 

New Library (Reading Room) Base- 
ment, East side. 

Director's Office, Staircase, Ground floor. 

North-West Staircase (Bottom). 

North Library (Centre). 

King's Library (East side). 

Wiiite Wing, Mezzanine (North side). 

White Wing, South Staircase. 

South-East Staircase, Ground floor. 

„ „ „ Upper floor. 

White Wing, North Staircase (Top). 
North-East Staircase (Top). 
North Gallery, West Hoisting Shaft. 
Gold Ornaments Room Lobby. 
Bookbinders' Workshops, Ground floor. 

„ „ Upper 

Director's House. 
No. 2 Residence. 
3 



1J 



>5 



?> 



)5 



» 



4 



J5 



55 



1i 



V 
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No. 25. No. 7 Residence. 
„ 26. „ 8 „ 
„ 27. „ Clerkofthe Works' Office. 



Summary. 



104 Fire-Cocks. 

36 Divisional and Commanding Cocks. 
18 Hose-Carts, Trucks, Boxes, &c. 
2 Corridor-Engines. 
27 Hand- Pumps. 
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DISTRIBUTION OF THE 
FIRE-PROTECTION PLANT. 



F. C. = Fire-Cock ; D. C. = Divisional-Cock ; 
C. C. = Commanding-Cock ; H. T. = Hose-Truck ; 
H. B. = Hose-Box; H. C. = Hose-Cart ; H. R.= 
Hose-Reel ; L. T. = Ladder- Truck. 

F. C. 1. New Library (Reading Room) 

Basement, South side. 
F. C. 2. New Library (Reading Room) 

Basement, West side. 
Here is a Hand- Pump. 
F. C. 3. New Library (Reading Room) 

Basement, West side. 
Here is a Hand-Pump. 
F. C. 4. New Library (Reading Room) 

Basement, North side. 
F. C. 5. New Library (Reading Room) 

Basement, North side. 
F. C. 6. New Library (Reading Room) 

Basement, Ea£.t .side. 
Here is a Hand- Pump. 
F. C. 7, New Library (Reading Room") 

Basement, East side. 
Here is a Hand- Pump. 
F C. 8. New Library (Reading Room) 

Basement, Soath side. 

20307 C 
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Ground Floor. 

C. C. 1. To A Cistern, South - West 

Staircase. 
F. C. 9. South- W^est Staircase. 

Telephone 7. Assyrian Transept. 

C. C. 2. To B Cistern, Director's Office, 

Staircase (Bottom). 

F. C. 10. Director's Office Stau^case. 

Here is a Hand-Pump. 

F. C. 11. Director's Office, Staircase 

(Landing). 

F. C. 12. Egyptian Gallery (East side). 

F. C. 13. Graeco - Roman Monuments 

Basement. 
H. T. 2. North-West Staircase (Bottom). 

Here is a Hand-Pump. 

C. C. 3. To E and F Cisterns, North 

Library, West Staircase. 

F. C. 14. North Library, West Staircase. 

Telephone 1. North Library. 

Here is a Hand-Pump. 
C. C. 4. To G and H Cisterns, North 

Library, East Staircase. 
F. C. 15. North Library, East Staircase. 
F. C. 16. King's Library, East side. 

Here is a Hand-Pump. 
H. T. 3. King's Library (Centre of East 

side). 
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Telephone 4. White Wing, Newspaper 

Lobby. 
F. C. 17. White Wing, Mezzanine (North 

side). 
Here is a Hand- Pump. 
F. C. 18. White Wing, Basement (North 

side). 
F. C. 19. White Wing, Basement (South 

side). 

F. C. 20. White Wing, South Stair- 
case. 
Here is a Hand -Pump. 

H. T. 4. White Wing, Bottom of MSS. 

Staircase. 

0. C. 5. To N Cistern, South-East Stair- 

case (Bottom). 

F. C. 21. South-East Staircase. 

Here is a Hand-Pump. 

Upper Floor. 

P. C. 22. South-East Staircase. 

Here is a Hand-Pump. 

Corridor En- > r» ^ i c i 

1 o ^ C entral Saloon, 
gmes, 1, 2. 5 

H. T. 5. Central Saloon (East side). 

F. C. 23. Glass and Ceramic Gallery. 

F. C. 24. White Wing, North Staircase 

(Top). 
Here is a Hand-Pump. 
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Telephone 3. 


Prints and Drawings Depart- 




ment. 


F. C. 25. 


Ethnographical Grallery (East 




side) . 


Telephone 5. 


Ethnographical Gallery. 


C C. 6. 


To I, J, K, L, and M. cisterns, 




Ethnographical Gallery (East 




side). 


F. C. 26. 


Ethnographical gallery (North 




of F. C. 25). 


H. T. 6. 


North- East Staircase (Top). 




Here is a Hand-Pump. 


F. C. 27. 


North Gallery, East Staircase. 


F. C. 28. 


North Gallery, East Hoisting 




Shaft. 


Telephone 2. 


Fourth Egyptian Room Study. 


F. C. 29. 


North Gallery, West Hoisting 




Shaft. 




Here is a Hand-Pump. 


C. C. 7. 


To C and D cisterns. Third 




Vase Room (East side) 


F. C. 30. 


Third Vase Room (East side). 




Lower Roof. 


F. C. 31. 


West Side (South end). 


F. C. 32. 


N. ofF. C. 31. 


F. C. 33. 


N. of F. C. 32. 


F. C. 34. 


N. of F. C. 33. 


H. B. 7. 


Centre. 
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Upper Floor. 


F. C. 35. 


Gold Ornaments Room Lobby. 




Here is a Hand- Pump. 


F. C. 36. 


South- West Staircase. 


kj, 0. 8. 


To Duplicate Rising-Main to 




Roof, South- West Staircase 




(Top). 


Telephone 13. 


Top of South - West Stair - 



case. 





Upper Roof. 


H. B. 8. 


South- West Staircase (Top) 


F. C. 37. 


West Roof (South end). 


F. C. 38. 


North of F. C. 37. 


F. C. 39. 


North of F. C. 38. 


D. C. 9. 


Near F. C. 39. 


F. C. 40. 


North of D. C. 9. 


D. C. 10. 


North of F. C. 40. 


D. C. 11. 


North of D. C. 10. 


H. B. 9. 


West Roof (Centre). 


F. C. 41. 


Dome, North- West side. 


F. C. 42. 


„ North-East „ 


F. C. 43. 


„ South-East „ 


F. C. 44. 


„ South-West „ 


F. C. 45. 


North of F. C. 40. 


F. C. 46. 


North of F. C. 45. 



38 

F. C. 47. North of F. C. 46. 

D. C. 12. North of F. C. 47. 

D. C. 13. N.-W. Angle of Upper Roof. 

F. C. 48. North Roof (West end). 

H. B. 10. East of F. C. 48. 

F.- C. 49. East of H. B. 10. 

F. C. 50. North Roof (Centre). 

D. C. 14. East of F. C. 50. 

F. C. 51. East of D. C. 14. 

H. B. 11. East of F. C. 51. 

F. C. 52. East of H. B. 11. 

D. C. 15. North Roof (East end). 

F. C. 53. East Roof (North end). 

F. C. 54. South of F. C. 53. 

D. C. 16. South of F. C. 54. 

H. H. 12. East Roof (Centre). 

F. C. 55. South of H. B. 12. 

F. C. 56. South of F. C. 55. 

F. C. 57. South of F. C. 56. 

F. C. 58. White Wing, North side. 

D. C. 17. „ „ East „ 

r . \j. oy. ,, „ „ „ 

F. C. 60. „ „ South „ 

F. C. 61. West of F. C. 60. 

F. C. 62. South- West of F. C. 61. 

H. B. 13. Near South-East Staircase. 

F. C. 63. North of H. B. 13. 

F. C. 64. North- West of F. C. 63. 

D. C. 18. South Roof (Centre). 
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F. C. 65. West of D. C. 18, 
F. C. 66. West of F. C. 65. 

Entrance Hall. 
Telephone 6. Messengers' Pound. 

Outside the Building. 

F. C. 67. Front Steps (West end). 

F. a 68. West Grass-Plot. 

F. C. 69. Opposite No. 6 Residence. 

F. C. 70. „ No. 7 „ 

C. C. 19. To Company's Main, South- 

West corner of Precincts. 
F. C. 71. Opposite No. 8 Residence. 
C. C. 20. To A, B, and N Cisterns, back 

of Director's Office. - 
F. C. 72. Near C. G. 20. 
F. C. 73. South- West Passage to Inner 

Quadrangle. 
F. C. 74. West Wall of Main Building, 
F. C,75. North of F. C. 74. 
C C. 21. To Roofs, West side of Main 

Building. 

C. C. 22. To F. C. 13, North of C. C. 21. 

D. C 23. To West Section of Main, 

North of C. C. 22. 
H. C. 15. Fire-Engine Room. 

■U. \j» JLD. ,, ,, ,, o 

n.. K. 1/. „ „ „ 

iJ, l. lo. ,, „ ^, 
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Telephone 9, Firemen's Watch- Room. (To 

New Scotland Yard Police 

Station.) 
Telephone 10. Firemen's Watch-Room. '(To 

Holborn Fire Station.) 
Telephone 12. Firemen's Watch-Room. (To 

Tottenham Court Road Police 

Station. ) 

^^^Mai^^^^" ] ^^^^* ^^^^^ "^^ ^^^^ Building. 
F. C. 76. North Basement (West end). 
C. C. 24. To F. C. 76. Outside West door 

to North Basement. 
F. C. 77. Bookbinders' Workshops, West 

entrance. 
F. C. 78. Bookbinders' Workshops, 

Ground floor (West end). 
Here is a Hand- Pump. 

C. C. 25. To F. C. 78 and 79. Near 

F. C. 78. 
F. C. 79. Bookbinders' Workshops, Upper 

floor (West end). 

F. C. 80. Bookbinders' Workshops, 

Ground floor (East end). 

C.C. 26. To F. C. 80 and 81. Near 

F. C. 80. 

F. C. 81. Bookbinders' Workshops, Upper 

floor (East end). 
Here is a Hand- Pump. 
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F. C. 82. 


North Wall of Main Building 




(opposite Bookbinder s' 




Workshops). 


F. C. 83. 


Carpenters' Workshops (West 




end). 


F. C. 84. 


Carpenters' Workshops (East 




end). 


F. C. 85. 


Opposite Housekeeper's Room. 


D. 0. 27. 


To ISorth Section of Main, 


• 


Opposite Housekeeper's 




Room. 


C. C. 28. 


To C, D, E, F, G and H Cis- 




terns. East of D. C. 27. 


C. C. 29. 


To Company's Mains. Back 




Gate. 


By-pass ^ 


Near C. C. 29. (Here is the 


Cock 30. S 


Water Meter). 


Telephone 14. 


Back Gate (Gatekeeper's Box). 


D. C. 31. 


To East Section of Main. South 




of By-pass C. 30. 


C. C. 32. 


To I, J, K, L and M Cisterns. 




South of C. C. 31. 


F. C. 86. 


Opposite North -East passage to 




Inner Quadrangle. 


F. C. 87. 


South of F. C. 86. 


F. C. 88. 


Opposite South-East Passage to 




Inner Quadrangle. 


F. C. 89. 


White Wing, North side. 


Dry Kising- > 
Main. ) 


North Wall of White Wing. 
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